INSTALL CNO CONNECTOR 


• 4- cor 

- • COT GN0 3USH 
*• #1/0 C?*0 WiflE 

reuov* ewsr, 

AND INSTALL, 



EXIST 5* CDT. 


/— EXIST, COT. CNO. 
* CONNECTOR 


#1/0 CNO. WIRE 



A *2 


to cno strap 
on spixe 


EXJST 15*0/ 
SPUCE CA3i/.£T 


CONNECT TO EXIST. 
CNO. WIRE 


EXIST. #1/0 GND. WIRE 


EXIST. 3 #3 GND. WIRE 


EXIST. COT. CNO. 
CONNECTOR 


EXIST. 5" CDT, 


SECTION n-n 


SPUCE CABINET GROUND CONNECTION niAP.SA M 

TYPICAL FOR STEP JS & £ 
NOT TO SCALE 


-STEPS REQtflRFn for i«v 

FEEDER WCTAISAWW 

J_ - DE-ENERGIZE FEEOER. 

2_ - 

REMOVE EXIST. ARCPROOFING. 

A. - 

BREAK EXIST. SPUCES (3) AND 
DISCONNECT GND. WIRE AS REQ'D. 


REMOVE EXIST. CONDUIT & WIRE TO 
1500KVA TRANS' F. SWITCH. 


INSTALL CONDUIT * WIRE TO 
2000KVA TRANST. 8KR. HV-B. 

A. - 

RE-MAKE SPUCES (3) AND CONNECT 
GND WIRING AS SHOWN. (REMOVE 
BARRIER IF REG'O.) 

X. - 

MAKE CONNECTIONS AT 2000KVA. 
TRANST. BKR. HV-8. 

a_ - 

INSTALL ARCPROOFING. 

a_ - 

TEST FEEDER AND RE-ENERGIZE. 


4" CDT. TO SWGR. 


3-1/C 350MCM. 15KV. 
& 1 #1/0 GND. (CU.) 


#1/0 CNO. WIRE, SEE 
SPUCE CABINET GND. 
CONNECTION DIAGRAM 


"V SPUCE - (3) 


i SCREW COVER 

J CABLE TERM" iATOR 
f I ARMOR CABLE SUPPORT 
[^GROUND CLAMP 

-EXIST. 



EXIST, cor.. 
1-3/C - 250MCM 
15KV ARMORED 
RISER CABLE 


GROUND CLAMP ] 
ARMOR CABLE SUPPORT L EXIST. 

CABLE TERMINATOR J 


REMOVE EXIST. & 
INSTALL CABLE SUPPORT 


EXIST. 3-1/C 
250MCM 15KV. 
CABLE (AL.) 

EXIST. 3-1/C 
500MCM 15KV. 
CABLE (CU.) , 


-2 & S 


EXIST. S" CDT., 
1-3/C - 500MCM 
15KV ARMORED 
RISER CABLE 



EXISTING 15KV. 
(AL) RISER CABLE 
TO SUBSTATION 
#SS-75N 

existing s* ex. 


NOTES 

1.- FOR LEGENO SEE DWG. E-J, FOR 
GENERAL NOTES. ABBREVIATIONS 
ANO LIGHTING FIXTURE SCHEDULE 
SEE OWC. £-2 


2.- 


FOR CONSTRUCTION STACHC SEE 
OWO. #CS-1 


3.- FOR WORK PREFORM EO ON SUBSTATION 

ss-4iN m stage n ft m see the 

FOLLOWING DRAWINGS: 
* SJACE n OWY 


DWG 
DWC 


JE-5 - TYPICAL SUBSTATION 
#E-18 - LOAD TRANSFER 


EXIST. 1S-V. 
SPUCE CABINET 


COVER ON 


SCREW COVER 


41st. Fl_ 


.STAGE m OKIY 

OWG #E-6 - TYPICAL SUBSTATION 

OWC #E-18 419 - LOAD TRANSFER 


* ecu 


OWO 
DWG 
DWG 
DWG 
OWG 
OWG 
DWG 


BINFD STACF TT Ar TTJ 
-11 (TKJS DWG) 


£-12 
E-13 
E-14 
:-15 
E-16 


E 


(TKJS DWG) SWGR. EQUIP. 
430V ONE UNE DKCRAM 
COT. it CABLE SCHED. 
SWGR EQWP. PLAN 
41 it FL CTRL CDT. 
41tt FL CDT LAYOUT 
42nd Ft COT LAYOUT 


EXISTING 5" E.C. 


SECTION rt-A 

NOTE: PF-At, A2. & A3 ARE TYPICAl 


SPUCE CABINET 
FRONT ELEVATION 


SUBSTATION #SS- 


PETAll "A" 


15KV. SPUCE CABINET 

0 1 2 3 4 5 
SCALE IN FEE! 


EXISTING 15KV (CU) 

RISER ^/^mM^^jm W& fS A TRUE ANO CORRECJ 
^~ 7 *WXJ8L& 1 E & m $ QSMMCr DRAWINGS CON. 

Sp TH tf.MJ N e V/H,eH SAID DSAWIWS EXISTOAT ' 
M eONTRACf WAS EXECUTED K 

V** lfc ".V.V.-V.V.Vll'.WWMV. 


TO SWGR. ! 
SEE DWC- LC ^ 2 
#E->5 t 


LOCAL CONTROL CASKET 




ATS- 
41N-R 






Short 


97 


Of 


224 



IWPMrMmNMflY 


fcNGKEERJNC PROGRAM MANAGER \ 
WORLD TRADE CENTER {_J 



ELECTRICAL ENGtfCEK f 
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SEE NQTF f.y 


SEE STAGE U 
DWG #E-5 


®\ SEE STAGE HE 
, J DWC #E-6 


OMTWO 15 KV. SPUCE CABINET 
SEE DETAIL 'A" THIS DWC 


♦'•^{ct's&ur 6 


-RISER DIAGRAM. 

1SKV. FEEDERS ft SWGR. BOSWAY 
NOT TO SCALE 


L I M I I 11 


Tito 


TOWER ONE AND TWO 
LOW VOLTAGE ' 5 
SUBSTATIONS 
CONSTRUCTION AND 
INSTALLATION 

ELECTRICAL V: 

SUBSTATION SS-41N 
STAGE H AND HI * 
SWITCHGEAR EQUIPMENT 
RISER DIAGRAM ""' 


No, Doti Rtv^oo 


Approytd 


ThM .*nfee «*jtd to condMoai in contract. 
AS inw^ona. Mm, dnio/w <xvi mvtfw^t 
bwrto or* rnwvKl to Port Authenlv 
nwy nri t* uMd vlhout lb written taiatc^ 
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FISCHER 


LEAHY 


OniflnM by Orown by 

Dot* 5-1-»S SccI* AS NOTQT 
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